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Whereas the Parliament of India has set out to provide a practical regime of right to 
information for citizens to secure access to information under the control of public authorities, 
in order to promote transparency and accountability in the working of every public authority, 
and whereas the attached publication of the Bureau of Indian Standards is of particular interest 
to the public, particularly disadvantaged communities and those engaged in the pursuit of 
education and knowledge, the attached public safety standard is made available to promote the 
timely dissemination of this information in an accurate manner to the public. 
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AMENDMENT NO. 1 OCTOBER 199(» 

TO 

IS 2556 ( Part 7 ) : 1995 VITREOUS SANITARY 

APPLIANCES ( VITREOUS CHINA ) — SPECIFICATION 

PART 7 SPECIFIC REQUIREMENTS OF ACCESSORIES FOR 
SANITARY APPLIANCES 

(Third Revision) 

( Page 1, clause 2 ) — Substitute the following for the existing: 

'IS 9140 : 1996 Methods of sampling of vitreous and fire clay sanitary 
appliances ( secorud revision )' 

( Page 1, clause 8, line 3 ) — Substitute 'IS 9140 : 1996' for 'IS 9140 : 
1995'. 



( CED 3 ) 



Reprography Uni(, BIS, New D«lhi, India 



AMENDMENT NO. 2 DECEMBER 1998 

TO 

IS 2S56 ( Part 7 ) : 1995 VITREOUS SANITARY 

APPLIANCES (VITREOUS CHINA) ~ SPECIFICATION 

PART 7 SPECinCREQUIREMEffTSOFACCESSORES FOR 
SANITARY APPUANCE8 

(nMRtHaUm) 

( Page 1, clause 4 Jt ) — Inert ■ new dause 4 J as follows: 

*43 Except for fimctioiul ditneosioitt, aD other requiiemenls as laid down in 
thia atandatd shall be complied with.' 

( Page 3, Fig. 2 ) — Insert a Note above Hg. 2 as follows: 
'NOTl - Ruling *t the bonom of lb* cbMntI b pcrauMilito.* 

(CED3) 



Repn^milky Uat, BIS, New Delhi, ladia 



AMENDMENT NO. 3 JUNE 2004 

TO 

IS 2556 ( PART? ):1W5 VITREOUS SANITARY 

APPLIANCES (VITREOUS CHINA) — SPECIFICATION 

PART 7 SPECIFIC REQUIREMENTS OF ACCESSORIES FOR 
SANITARY APPLIANCES 

( Third Revision ) 

( Page 4, Fig. 3B ) — Substitute the following figure for the existing: 



c^70 mm. 




«- WATER SEAL 
20 min. 



(CED3) , 



Reprography Unit, BiS, New Delhi, India 



SaAitary Appliances and Water Fittings Sectional Committee, CED 3 



FOREWORD 

This Indian Standard ( Third Revision ) was adopted by the Bureau of Indian Standards, after the draft 
finalized by the Sanitary Appliances and Water Fittings Sectional Committee had been approved, by the 
Civil Engineering Division Council. 

This standard was first published in 1963 and the first and second revision were issued in 1967 and 1973 
respectively. In this third revision the accessories used with sanitary appliances namely footrests, shower 
rose, floortraps and traps for squatting pans, covered earlier under Parts 10, 11, 12 and 13 have been 
merged beside incorporating changes found necessary in the light of comments made by the users, 
improvements made by the Sanitaryware Industry. 

The composition of the technical committee responsible for the formulation of this standard is given 
in Annex A. 

For the purpose of deciding whether a particular requirement of this standard is complied with, the 
final value, observed or calculated expressing the result of a test or analysis, shall be rounded off in 
accordance with IS 2: I960 « Rules for rounding oflT numerical values { revised y. The number of 
significant places retained in the rounded off value should be the same as that of the specified value in 
this standard. 
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1 SCOPE 

This standard ( Part 7 ) covers the requirements 
for dimensions and tolerances, construction, 
finish^ tests and marking of following acces- 
sories, made of vitreous china. 

Half round channel, 

Foot rest, 

Traps for squatting pans, 

Floor traps, and 

Shower rose. 

2 REFERENCES 

The Indian Standards mentioned below are the 
necessary adjuncts to this standard: 

IS No. 



Floor traps 
Shower rose 



Fig. 4 
Fig. 5 



2556 
( Part 1 ) : 1994 
( Part 3 ) : 1994 

9140 : 1996 



Title 

Specification for vitreous 
sanitary appliances: 
General requirements ( third 
revision ) 

Specific requirements of 
squatting pans ( fourth 
revision ) 

Methods of sampling of 
vitreous and fire clay 
sanitary appliances ( second 
revision ) 

3 GENERAL REQUIREMENTS 

The general requirements relating to termino- 
logy, materials, manufacture and defects, 
minimum thickness, tolerances, finish, perfor- 
mance and method of tests covered in 
IS 2556 (Parti): 1994 shall be complied 
Jwith. 

4 DIMENSIONS 

:4.1 The accessories shall be of dimensions 

shown in the respective figures, as follows: 

Half round channel Fig. 1 

Foot rest Fig. 2 

Traps for squatting pans Fig. 3 



as 



NOTE — The illustrations shown arc only indicative 
of design. 

4.2 Tolerance where not given for specific 
dimensions, shall conform to IS 2556 ( Part 1 ) : 
J994. 

5 CONSTRUCTION 

The accessories shall be of one piece construc- 
tion. 

NOTE — In case of floor trap ( see Fig. 4 ). the 
grating ( jali ) is a separate piece. 

6 FINISH 

All the functional surfaces of the accessories, 
that is, those coming in contact with water shall 
be glazed uniform and smooth, in order to ensure 
an efficient function and use. 

7 TESTS 

7.1 Performance Test 

The performance test is applicable only for 
shower rose ( see Fig. 5 ). The shower rose 
when fitted at a height of 2 100 mm from the 
floor under a minimum of 3 m head shall wet a 
circular area having 450 mm as its minimum 
diameter on the floor. 

7.2 Flushing Test 

The flushing test is applicable only for traps 
for squatting pans ( see Fig. 3 ). The flushing 
test shall be performed in accordance to the 
provisions stipulated in IS 2556 ( Part 3 ) : 
1994. 

8 SAMPLING, PROGRESS INSPECTION 
AND LOT INSPECTION 

The recommended method of sampling, process 
inspection and lot inspection shall be as given 
in IS 9140 : 1996 

9 MARKING 

9.1 Each piece of the accessories shall be 



1 
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clearly and indelibly marked at a suitable place 
with the following: 

i) Name or trade-mark of the manufacturer; 

and 

ii> Batch/lot number. 

9.2 BIS Certification Marking 

9,2,1 The product may also be marked with the 
Standard Mark. 



9.2,2 The use of Standard Mark is governed by 
the provisions of the Bureau of Indian Standards 
Act» 1986 and the Rules and Regulations made 
thereunder. Details of conditions under which 
a licence for the use of the Standard Mark may 
be granted to manufacturers or producers may 
be obtained from the Bureau of Indian 
Standards. 



-300 OR 600 






-STOP END OPTIONAL 

T -^ " 



TYPE A 



-300 



il I r 



60 




■^--^4 



"4^ <^7o|-| — 
^ 90 
150 ~ 



^ 150- 

I r^ 



50 




OUTLET OPTIONAL 



-H 090 K 



TYPE B 
1A STOP END CHANNEL WITH OUTLET 



-300 OR 600- 



"T 

as 



150 



/-R50 



TYPE A 



-300 OR 600- 



"T 

60 
-JL 



TYPE B 
IB PLAIN CHANNEL 




300 OR 600- 



50 



k~ 25M I*- 15-^|U-10 



R50 



SOCKET OPTIONAL 




1C PLAIN CHANNEL WITH SOCKET 

NOTE — Ovality is permissible within the variation allowed for the dimension. 

All dimensions in millimetres. 
Fig. 1 Half Round Channel 
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DESIGN OF THE FACE SHOULD BE SUCH AS TO MAKE 
IT NON'SUPPERY BY PROVIDING CHEQURED OR FLUTE 
OR ANY OTHER DESIGN AND TO PERMIT EASY FLOW OF 
WATER TOWARDS THE PAN RIM OR BOWL OF SQUATTING PAN 



JJ! 



MIN 



All dimensions in millimetres. 
Fig. 2 Foot Rest 



GAS VENT(OPTIONAL) 

P-TRAP 
50 




S-TRAP 



NOTE ^ Ovality permissible within the variation allowed for the dimensions. 

All dimensions in millimetres, 
3A Traps for Long Pattern and Orissa Pattern Pans 

Fig. 3 Traps for Squtting Pans — Contd 
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l- WATER SEAL 
20 min. 

NOTE - Ovality permissible within the variation allowed for the dimensions. 

All dimensions in millimetres. 

3B Trap for Rural Pattern Pan 

Fig. 3 Traps for Squatting Pans 




FLOOR TRAP 
GRATING (JALI) 

NOTE — Ovality permissible within the variaiion allowed for the dimensions for inlet and outlet 
diameters. 

All dimensions in millimetres. 
Fig, 4 Floor Trap 
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All dimensions in millimetres. 

Fig. 5 Typical Illustration of Vitrbous Showbr Rosb 
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ANNEX A 
( Foreword ) 

COMMITTEE COMPOSITION 



Sanitary Appliances and Water Fittings Sectional Committee, CED 3 



Chairman 
Sbri S. Prakash 

Aitm^fs 

Shbi p. K.J aim ( Attirnaf to 

Sbri S. Prakmsh ) 
The Adviskr { PHE ) 

Deputy AovisEii { PHB ) ( AlUmatt ) 

SbBI J. R. AOOARWAL 

Shri Sakjay Aooabwal ( AlUtnaU ) 
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Shri K. Jayakamth ( Altimati ) 
Sbbi Vidur Bhaskab 
Shbi Abcn Kaitti Biswas 

Sbri K. B. Chopra 

Lt-Col G. T. Kausbik ( Alternati 1 ) 

Lt*Col S. K. Shabma ( AlUmait II ) 
Dr T. K. DaH 
Htdraulk! Enoimebr 

Deputy Hydras lic Ehoinebr ( Alttrnati ) 
Sbri D. K. Kakumoo 

Sbri R. Kapoor ( AUtrnaf ) 
Nf anaoimo Director 



Riprtstntini 

Delhi Water Supply and Sewage Ditpota) Undertaking ( MOD ), 
Delhi 



Central Public Health and Environmental Engineering, New Delhi 

M/i Goverdhan Das P. A., Calcutta 

E. I. D. Parry ( India ) Ltd, Madrai 

Bhaskar Stoneware Pipes Pvt Ltd, Faridabad 

National Environmental Engineering Research Institute ( CSIR ), 

Nagpur 
Eiigineer-ln-Chief*i Branch, Ministry of Defence, Army Head' 

quarters, New Delhi 



Central Glass and Ceramic Research Institute ( CSIR ), Calcutta 
Municipal Corporation of Greater Bombay, Bombay 

National Test House, Calcutta 



Kerala Water Authority, Public Health Engineering Department, 
Trivandrum 

Chief Enoihbbii ( PS & G ) ( Alttrnati ) 
Sbri K. Laksbiii Narayama 

Sbri A. Sharifp ( Alttrnati ) 
Shri S. K. Neooi 

Sbri A. K. Sbnoupta ( Alttrnati ) 
Sbri O. P. Ratra 
Sbri R. S. Rotithor 

Shri S. D. Jobhi ( AlUrnatt ) 
Sbri D. K. Sbuoal 

Sbri B. B. Sikka ( AUtrnatt ) 
Senior Civil Engineer ( Water Supply ) 
Sbri R. C. Shabma 
Sbri Supesb Kumar Sbarma 

Shri Subbsh Kumar Sharma ( Alttrnati ) 
Superintending EnoiKber ( TAG ) 

Executive Engineer ( TAG ) ( Alttrnatt ) 
Shri R. K. Somanv 

Shri Sandip Somany (Alttrnatt ) 
SuPBBiNi ending Surveyor of Works ( NDZl ) Central Public Works Department, New Delhi 

Surveyor of Works ( NDZl ) ( Alttrnatt ) 
Shri S. Sundaram Glass Fibre Division, Ceat Ltd, Hyderabad 

Representative Central Institute of Plastic Engineering and Technology, Madras 

Riprbsbntative Institution of Engineers ( India ), New Delhi 

Secretary General Indian Water Works Asiociation, Bombay 

Shri D. K. Thombre Maharashtra Water Supply and Sewage Board, New Bombay 

Sbri J. R. Mebta, Director General, BIS ( Ex-officio Mtmbtr ) 

Director ( Civ Engg ) 

Mtmbtr Stcrttarits 

Sbri S. S. Setbi 

Director ( Civ Engg ), BIS 

and 



Hindustan Shipyard Ltd, Visakhapatanam 

Institution of Public Health Engineers India, Calcutta 

Building Material and Technology Promotion Council, New Delhi 
M/sKirloskar Brothers Limited, Fune 

Leader Engineering Works, Jallandhar 

Ministry of Railways ( Railway Board ), New Delhi 
Directorate General of Supplies and Disposals, New Delhi 
Central Building Research Institute, Roorkee 

U. P. Jal Nigam, Lucknow 

Hindustan Sanitaryware Industries Ltd, Bahadurgarh 



Shri R. S.Junbja 
Joint Director ( Civ Engg ), BIS 
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( C^ntinuid from Pag$ 6 ) 

Domestic Sanitary Appliances and Accessories Subcommittee, CED 3 : 1 
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Shri a. a. Ganpule 

Shri Rajendra Kumar ( Alternate ) 
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Shri P. R. Gupta ( Alternate ) 
Shri S. Prakash 



Representing 
Hindustan Sanitaryware and Industriei Ltd, Bahadurgarh 



East India Geramics, Vellore, Tamil Nadu 

Tamil Nadu Water Supply and Drainage Board, Madras 

Municipal Gorporation of Greater Bombay, Bombay 

Gentral Glass and Geramic Research Institute ( GSIR ), Galcutta 
Directorate General of Supplies and Disposals, New Delhi 
E. I. D. Parry. ( India ) Ltd, Madras 

Kerala Water Authority, Public Health Engineering Department, 

Trivandrum 
Research Designs and Standards Organization, Lucknow 

Parshuram Pottery Works Go, Thangadh 

Madhusudan Geramics, New Delhi 
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Delhi Water Supply and Sewage Disposal Undertaking (MGD). 
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Gentral Building Research Institute, Roorkee 
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